GAS SAFETY CERTIFICAT 


This form can be used as a Landlord’s gas safety certificate 


Ser No. 


14225 


| | Contract Number UOosS 
| | Customer Name \2. Name 
Site Address Croke lite. A-6 4A ays Address 
Shefielel 
Postcode 210 Postcode 
Received By Signature 


Rented Accommodation no 


| Landlords Details If Different 


Enter Company 
Registration 
Number 


Landlords Service Appliance Details 
App| appliance | Inspection F ; Flue Type 
Yes/No Repair Gi Location Type Model Serial Number Burner Manufacturer (OF/RS/FL) 
1 | ‘@s \nspechen)  SUplesreanayy System Gey | Veisman Gus | 4w6n4 Lbissmonr of e 
2 | @ \mgackien es - +o System Gone Uerssmay CCl, | “@II6771¢ | Veassmren A 
oY, oF} 2AwWHe , | = 
3 | Yor | \evpactoor Sperbety w/t | Ath - G0/ScO-Moxho | G1i246 Andrew C 
4 | YO> _|\npestaen. Sagpierbener LI] 4 , [Pu -Ga/300 -MoRig | 071266 . Andreu . Olé 
{General Safety Checks Result | General Safety Checks Result Ventilation 
L 
pas heoatar compressor operating correctly | | Fiue termination satisfactory (Yes/No/NA) wo Low level free area cn? or ventilation flow rate inlet mm Actus ZIOO em™ Reguied (Celculated) IS 2Epae 
ptt Een PASS SiAGTraTT Yes Pel delrre ied ris Raney oe Uy High level free area cm? or ventilation flow rate extract m/h Actual_@ S36 owt Required (Calculated) "7 G6. at 
Is the meter installation correct (Yes/No) o> Is gas pipework electrically bonded (Yes/No) ‘a> All ventilation grills clear and unobstructed (Yes/No) Fans and/or flue interlocks operating correctly (Yes/No/NA) 
Ra ee en Ne ne | as Details of any faults Remedial Action Taken Comments and calculations 
Gas Installation pipework sleeved and sealed as. ‘Are emergency valve handles in place and 
appropriate (Yes/No) Yo> | labelled (Ves/No} o> Fles kminodie toe clase Ookeor loogec\ 
Ts gas._pipework colour coded or identified " ; 
(Yea NOrNA) p> | Dovalves fall to the correct position (Yes/No) | Yos fees nor as pur MS> Defect Loo ol 
Ts fue system Installed dance with I 38 
[standards (WasNo} | AX) __| Aroatclear of combustible materiale Yes/No) | py a ktley Wahiaken, | Valale cone melar, 
7 App tor | App2or | App3or | Appdor App tor | App2or | AppSor | App4or App tor | App2or | AppSor | App4or 
| Appliance Checks App 1 High | App 1 Low | App 2 High} App 2 Low ‘App 1 High] App 1 Low | App 2 High| App 2 Low _|App 1 High | App 1 Low | App 2 High| App 2 Low 
Flue flow test satisfactory (Ves/No/NA) Yos “toy | tas | Sle | SER Poeee treet scene) we Po Aa,_| Carton Dioxide (CO,) (2) leq |¢@ |3% |e¥% 
4 all 
7 T 
Splllage test satisfactory (Yes/No/NA) ‘is > Ye> Ya> SEE RE ET wm aA. |) ee Excess Alr (9) 18 62 35 4 
T - 
Air/Gas switch operating correctly (Yes/Na/NA) Yos o> Yes Mos Gas rating measured (kKW/h / NA) » NS a ay CO/CO, Ratio | 0004 .GOOU. | Foe chy cco 
Flame proving devices operating correctly Fe 3 
| (¥es/No/NA) Ye. > o> | “ > Us 5 Ait/gas ratio control setting (96/NA) nt ree mM nw» Gross Efficiency 1%) q7 4 as ay 
Burner lock out time (seconds) \oo 0 ao ao ; flue gas temperature (gross less ambient) 46 42. as 2B | CO tue aiiution (ppm pe Ne Iv Ne 
Temperature and limit thermostats operating 
sane (Yes/No) _ Yas YW Kgs Yo» | Oxygen ©. 9%) $.6 62 | $.4 $F _| Standing pressure (mbar) 25 | 25 “us 25 
Heat net input rating data (kW) SEMW | CAUW | 2QuW | LRM | Carbon Monoxide (COKopm) 20 ie Gl GZ_| Working pressure (mbar) ay oy 10 20 
Worksheet No (if used) 08S65 Declaration of gas safety - | confirm that al of the above work described on this form has been satistactorily isappliance’ssteitor:uss (Yes/No) | Yes | NaS. | Mos | Yom 
\'LAZ S650 compieted in accordance with the current Gas Safety (installation and use) regulations, standards and procedures, Has a warming advice notice been raised 
= : (No or Warning notice Ser No or No's) Yes - Debed looppal 
ecked by (office Date 
Chahed bi lotice ue) Nal 21/3) 14 Test Instrument Dinter V300 
Egverodtion database “os Signature Test Instrument serial number VZROTRESEAO , 
Distribution: White Customer, Yellow - Service Centre, Pink- Site, Green - Engineer 


Gas Satety Certificate 
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Version No:01 
Version Date: February 2015 
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‘Security Classification; Unclassified 


